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1. FOR LEGEND AND GENERAL NOTES SEE CONTRACT DRAWING E-1. 

2. FINAL CONNECTIONS TO SWJTCHGEAR SHALL BE MADE WITH UQUID 
TIGHT FLEXIBLE CONDUIT. 

3. SECONDARY MAIN BREAKER AND ALL SECONDARY LOAD BREAKERS SHALL 
BE PAD-LOCKABLE IN BOTH THE OPEN AND CLOSED POSITIONS. 

4. PROVIDE SUPPLEMENTAL SWITCHBOARD WfTH LOAD BREAKERS AS 
REQUIRED BY THE AUTHORITY. THIS WORK WILL BE COMPENSATED 
FOR UNDER THE NET COST PROVISION OF THIS CONTRACT. 
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